Summary of the measurements from EHS direct reading/real-time meters (photo of 
meters inside of PSFA on Jan 30, 2019 on page 2 for reference): 


IAQ Parameter 

Ranges 
Measured 
on Jan 30, 
2019 

Ranges 
Measured 
on Jan 31, 
2019 

Ranges 
Measured on 
Feb 8, 2019 

Cal- 

OSHA 

PELs 

(8 hour work 
day) 

Nuisance Dust and 
Particulates (Total) 

0.018-0.026 

mg/m 3 

Similar to 1/30/19 
ranges 

Similar to 1/30/19 
ranges 

10 mg/m 3 

Carbon Dioxide 

JCO 2 )_ 

745ppm - 
848ppm 

400-600 ppm 

Similar to 1/31/19 
ranges 

5000 ppm 

Carbon Monoxide 
(CO) 

0 ppm 

0 ppm 

0 ppm 

25 ppm 

Hydrogen Sulfide 
(H2S) 

0 ppm 

0 ppm 

0 ppm 

10 ppm 

Oxygen 

20.9% 

20.9% 

20.9% 

19.5% - 
23.5% 

Lower Explosive 

Limit (gases) 

0% 

0% 

0% 


Total VOC’s (PID) 

0 - 0.03 ppm 

Similar to 1/30/19 
ranges 

Similar to 1/30/19 
ranges 

■Q9H| 

Temperature 

69.5°F 

Similar to 1/30/19 
ranges 

Similar to 1/30/19 
ranges 

N/A 

Dew Point 

48.2 

Similar to 1/30/19 
ranges 

Similar to 1/30/19 
ranges 

N/A 

Relative Humidity 

46.6% 

Similar to 1/30/19 
ranges 

Similar to 1/30/19 
ranges 

N/A 


Notes: 

• Similar low-level/within range readings outside of the building. 

• No Permissible Exposure Level (PEL) for Oxygen but readings fall within acceptable 
range for Cal-OSHA regulations (i.e.- for atmospheric hazards in a confined space). 

• American Industrial Hygiene Association (AIHA) considers < 5 ppm VOC as "within 
range” for indoor air. 
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